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Phil: 

I am sending you the Purchase order number from Marion County Business 
Services for the following requested work. 

As per our discussion yesterday at the Courthouse Square in Salem, we met 
to discuss potential problems with uneven flooring and possible stress 
problems on several floors. I have inserted this text which I sent to my 
supervisor which lays out the scope of the work. 

" / met yesterday with Phil Boltinghouse from Da vid E vans & Assoc. to 
look o ver concerns about the CHSQ tile and structural issues. A t this 
point he is giving the building a clean review. He is going back to his 
office with the structural plans (which he had from the Northblock 
review) and a floor plan of the effected bathroom areas and will get 
back to me next week after he does some calculations and study.. 

His determination is that the grout bed under these bathroom floors 
may have shifted to cause the floor tiles to pop up. There are no 
cracks in the walls indicating that the building itself is having a 
problem. 

His opinion is that the unlevel flooring in the DA 's office was there 
when the building was accepted. This concurs with information from 
the DA 's area about this problem being ther since they moved in. Phil 
also indicated that with the eneveness that they have in areas that 
there would be signs of cracking showing in the walls. There are no 
cracks in that area. 



Printed on Recycled Paper 
Reduce Reuse Recycle Recover 



555 Court Street, NE • Salem, OR 97301 ~ PO Box 14500 • Salem, OR 97309 

www.co.marion.or.us 




Marion Count y 

OREGON 

BUSINESS SERVICES 
DEPARTMENT 



BOARD OF 
COMMISSIONERS 

Sam Brentano 
Janet Carlson 
Patti Milne 

CHIEF ADMINISTRATIVE 
OFFICER 

John Lattimer 

BUSINESS SERVICES 
DIRECTOR 

Gayle Horton 

Telephone: 

(503) 589-3295 

Fax: 

(503) 566-3997 

DIVISIONS: 

Facilities Management 
Financial Services 
Human Resources 
Risk Management 



My own observation when I first got here was that in an un-occupied 
area of the fifth fiooryou could see up to a 3/4 to 1" gap under a fuii 
length of dry wall. " 

The PO# which our accounting department established for this work 
is 723186. 

Looking forward to the final analysis, which we discussed during our 
meeting. 



Bob Hutchinson 



Marion County 
Business Services 
Facilities Manager 
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